STATUTES AT LARGE

Sec. 17. a. A swimming instructor, bathing master or other qualified
attendant shall be on duty at the pool side at all times when the pool
is open to the use by bathers. Such attendant shall have full charge of
bathing and is authorized to enforce all rules of safety and sanitation,
b. At all public beaches one or more life guards shall be on duty dur-
ing all bathing hours.
c. No bathers shall be permitted to enter the pool enclosure unless
an attendant or other competent person is present:
d. Whenever a pool is empty, entrance of all persons except pool
attendants must be kept out.
Sec. 18. Personal Regulations:
a. All persons using a swimming pool shall, before entering a pool,
take a shower bath.
b. Any person having any skin disease, sore or inflamed eyes, cold,
nasal or ear discharges, or any communicable disease, shall not be allowed
to use any public swimming pool.
c. Spitting, spouting of water, blowing the nose, etc., in the pool is
prohibited.
d. Placards giving the above information shall be conspiciously posted
in the pool room and enclosure.
Sec. 19. Chemical and Physical Quality of Swimming Pool Water.
a. All artificial pools are required to chlorinate the water entering the
pool, and there shall be at all times, when the pool is in use, an excess
of not less than 0.2 parts per million of available chlorine nor more than
0.5 parts per million.
b. All swimming pool water where chlorine is used, shall show an
alkaline reaction and the pH shall be not less than 7.5 nor more than 8.3.
c. At all times, when the pool is in use, the water shall be sufficiently
clear to permit a black disk six inches in diameter on a white field, when
placed on the bottom of the pool at the deepest point, to be clearly visible
from the sidewalks of the pool at all distances up to ten yards, measured
from a line drawn across the pool through said disk.
Sec. 20. Bacterial Quality of Swimming Pool Water:
a. Whenever streptococci bacteria is found in the water of any swim-
ming pool or bathing place, the pool or beach shall be closed until the
water is found to be free from this bacteria.
Sec. 21. Cleaning Pool:
a. Visible dirt on the bottom of a swimming pool shall not be permitted
to remain more than 24 hours.
b. Any visible scum of floating material on the surface of the pool shall
be removed within 24 hours by flushing or other effective means.
Sec. 22. Bathing Load Limit:
a. The total number of bathers using a swimming pool during any
period of time shall not exceed 20 persons for each 1,000 gallons of clean
water added to the pool during that period. The term "Clean Water," as
used above, is interpreted to mean new clean water used to refill the pool.
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